CONOUfT 
OBSIGNATION 


CPCOJT 
No 


FROM 


CONDUIT AND CABLE SCHEDULE STAGE XE AND 


CONDUIT 


NUMBER 
Of SETS 


cable 1 . (piR COT.S 
-PR WSWY, 


NUMBER & SIZE TYPE 


MEDIUM VQITA^fr 15KV n ^ 


Pf-PSC 


PT-.B5C 


££rflfi£ 


EXIST. J5KV 
SPUCE CABINET 


i»PMnrnimieimv 



FPR'S - TRANSFFR FRQM fx 1ST S WGR_."R" BUR m owe. , E - M . on E line o^, 


CP-75-RP 


tt-1-WUP 


R - ? & 


2-1 


3-3 


1-2 


2-2 


2-7 


SWCR. BUS #2 


CB-R1 


SWCR. BUS #4 


swcr eus #1 


SWGR. BUS #2 


SWCR. BUS #2 


TRANSF. #IR-R1 


EXIST. 1600A 
BUSWAY 


EXISTING 
TRANSE. #TR-RI 


BUSWAY CAP 


EXtSr. 16O0A 
BUSWAY 


EXIST. P.B. #1 


460V 


208/ 
/120V 


480V 


480/ 
/277V 


/277V 


480V 1 


3 I/? 


3 i/r 


3-50CMCM (xH).,V-2 


3-5COMCU 


1 -f 2/0 


200OA 
BUSWAY 


2000A 
BUSW 


3-5O0MCM KHHW-2 


i-l»/o 


3*. 
F.N. 

gno. 


3*. 

F.N. 
CNO. 


G.VD. 


PULL BOX 


3 /4/0 


XHHW-2 


SEE DWG. f £-95 ONE UNE DIAGRAM * PLAN 



1-#B 


XHHW-2 


CND. 


SEE OWC. fE-103. EXTEND FOfTS. TO TEMP. UPS 


BY-PASS POWER FOR SS-75E U.P.S. 
SEE DWC. #E-95 * E-103 


T 6 


1-2 


S wo/busway I gJ|J v c«xecTOR 


+80/ 
/277V 


4000A 
BUSWAY 


3*. 

F.N. 
CNO. 


TEMPORARY BUSWAY 


Q> - REMOVE DOST, * INSTALL COPPER CABLE LUGS 
& - SPUCE TO EXIST. AL CABLE" 
W - CONNECT TO DOST. AL BUSWAY 


FOR EXIST. COT. 
* WIRE SEE 
OWG #£-111 


TOWER ONE AND TWO 
LOW VOLTAGE 
SUBSTATIONS 
CONSTRUCTION AND 
INSTALLATION 

ELECTRICAL 

SUBSTATION SS-75E 

STAGE H AND IEE 
CONDUIT AND CABLE 
SCHEDULE 


He. Dots ,Rtvo!on 


Approved 


Thai *»*ing «K*pct to conS&tt in cectfoeL 
AH lymtotom, *3*au. <fe«^n 0*4 meltofe 
** r **> orm rwervt>d to Port Authority orx* 
«*V not be w>e<3 without ft. wriJtcn content 


LEAHY/ 
nSCHES LEAHY 


0««Igo«J by Orown by C**ck«J by 

Doto 5-1-93 Scot* NONE 

Contract Hgmbcr o^,^ 

WTC 802.071 E-85 


